CLIMA Non Domestic Gas Safety Record . 
oe > ) Dy ert. No, 197 
Safety Inspection and reporting carried out in accordance with the Gas Safety (Installation and Use) Regulations and the Gas Industry Unsafe 
Clima Heating Services Ltd Situations Procedure No detailed internal inspection of flues (integrity, construction and lining) has been carried out. 
Company / Installei lob Address} ‘ustomer / LandLord 
Engineer zal Name UoS Accommodation Village Name 
Company Clima Heating Services Ltd ‘Address Yarncliffe FG Company 
Address 4 Endcliffe Village ‘Address 
Flockton Crescent Sheffield Endcliffe Avenue 
Sheffield South Yorkshire Sheffield 
South Yorkshire PostCode S10 3EA South Yorkshire 
PostCode 513 9QR Tel. No PostCode 510 3EA 
Tel No. Tel. No 01142 224948 
Gas Safe Reg 
ID Card No. 
Appliance Details Inspection Details} 
action ‘oplance Type woke Mosel ‘Fue Type | Landioe’s Applonce inspected | Operating Pressure | Heat apt (kWh) | High Cambustion | Low Combustion Safety devices Ventlaton |Vsusl condition) Fle | Applnce | aoplnce safe 
sophance ‘ban ‘Reoding Reading corect. | Provsion-offgeand.”| Performance | ‘Seviced | tose 
aio CO|C2 alo colco2, Pemten —sasoctory  fematon | tet 
oon) % fem % 
1| Plant Room Water Heater Andrews CWH 60/200 (Burner 1) FF Yes Yes 18.0 31.5 0.000551 8.8.0.0000 2 8.3, Yes Yes Yes Pass Yes Yes 
2| Plant Room Water Heater Andrews CWH 60/200 (Burner 2) FF ‘Yes Yes 18.0 29.9 0.0005 50 8.8.0.0000 0 8.3, Yes Yes Yes Pass Yes Yes 
3| Plant Room Water Heater Andrews CWH 60/200 (Burner 3) FF Yes. Yes 18.0 30.8 0.0006 54 8.8.0.0000 0 8.3, Yes Yes Yes Pass Yes Yes 
4 Plant Room Water Heater Andrews CWH 60/200 (Burner 4) FF Yes. Yes 18.0 31.1 0.0005 49 8.8.0.0000 1 8.3, Yes Yes Yes Pass Yes Yes 
5 | Plant Room Boiler Viessmann Vitodens 300 WB3A- FF Yes Yes 18.2 57.6 0.0001 87.60.0001 9 8.6 Yes Yes Yes Pass Yes Yes 
6| Plant Room Boiler Viessmann Vitodens 300 WB3A- FF Yes Yes 18.2 59.6 0.0000 1 7.60.000217.8.7, Yes Yes Yes Pass Yes Yes 
66kW 
efects / Identified Emergency Control Accessible 
Labels and Warning Notice Issued acessene Yes! Gas Tightness Satisfactory Yes 
1 No Gas Installation Pipework Visual inspection Satisfactory Yes 
2 No Equipotential Bonding Yes 
3 No 
7 No NEXT INSPECTION DUE ON OR 17-Sep-2022 
BEFORE 
5 No 
6 No 
Received Signed Date 17-Sep-2021 ] 


by: 


Print Name zm Print Name | i 


